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Abstract- Power quality monitoring and diagnosis is an 
important aspect in studies, which pertains to performance of a 
Photovoltaic (PV) system. With the growing popularity as 
alternative to conventional fuel, PVs are being increasingly 
employed for a wide range of applications. To be able to develop 
a complete solar PV power electronic conversion system in 
simulation, it is necessary to define a circuit based simulation 
model for a PV array in order to allow the interaction between a 
converter and the PV array. This research analyzes the role of 
Proportional Integral (PI) based controllers in the control 
systems for Voltage Source Converters (VSC). These PI 
controllers have been implemented for voltage and current 
systems for DC-AC converters. A double stage grid connected 
has been developed for the study in which manufacturer 
available data sheets of 100 kW solar PV array have been used. 
The PV array used has been operated under changing 
atmospheric conditions: solar radiation and ambient 
temperature. The Maximum Power Point Tracking (MPPT) 
technique is used to extract the maximum power from non-linear 
PV array. Two basic MPPT techniques have been implemented 
in this thesis: P&O and IC. A power quality comparison is 
carried out which analyzes the active and reactive power 
exchange among converter, load and utility grid. The MPPT 
technique has been built in DC-DC boost converter. In addition, 
harmonic analysis has been done using fast fourier technique in 
Matlab simulation for voltage and current. 

Index Terms- Photovoltaic, maximum power, control, load, 
converter 


I. INTRODUCTION 

Solar energy is one type of a non-conventional energy. It has 
been harnessed by humans since the ancient times using 
variety of technologies. Its radiation coupled with secondary 
resources such as wave and wind power, hydroelectricity and 
biomass, accounts for important non-conventional type of 
energy on earth. However, it has been seen that only a small 
fraction of the received solar energy is used [1]. Passive solar 
technologies include orientation of a building towards sun and 
selecting the materials with favorable thermal mass and light 
dispersing properties [2]. 

In [3] it is presented an approach which models the solar cell 
system with coupled multi-physics equations (PV, electro¬ 
thermal, and direct heating) within the context of the resistive- 
companion method in the virtual test bed computational 
environment. In [4] it is discussed that as 


Maximum Power Point (MPP) of PV power generation 
systems changes with changing atmospheric conditions (solar 
radiation and ambient temperature), it is important to correctly 
track the MPP in the design of efficient PV systems. In [5] it is 
presented that PV generators exhibit nonlinear I-V 
characteristics and MPP that vary with solar radiation. [6] 
proposed a novel MPPT technique which efficiently extracts 
maximum power from PV panels. In [7] it is discussed a 
dynamic process for reaching the MPP of a solar PV cell. The 
process tracks MPP nearly cycle-by-cycle during the 
transients. The information from natural switching ripple, 
instead of external perturbation is used to track the MPP. In 
[8] it is discussed that the MPPT is used in PV systems which 
maximize the PV array output power during changing ambient 
temperature and solar radiation. In [9] it is proposed a novel 
MPPT technique with a simple algorithm for PV power 
generation systems. 


II. SOLAR PHOTOVOLTAIC ARRAY MODELING 


The important factors which affect the efficiency of a PV 
module are ambient temperature and solar radiation. The PV 
cell output voltage is a function of the photocurrent which is 
determined by load current depending on solar radiation level 
during operation, [10]. Figure 1, shows equivalent circuit of a 
solar PV cell which consists of a light generated current 
source, a single p-n diode representing the non linear 
impedance of p-n junction with R s and R p . The series 
resistance R s accounts for any resistance in current path 
through semiconductor material, metal grid, contacts, and 
current collecting bus. The value of R s is multiplied by the 
number of series-connected cells. The parallel resistance R p is 
the loss associated with leakage current through parallel 
resistive path to the device. 
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Figure 1 Single exponential model of single solar PV cell 
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The following equation gives output current [11] I a of a PV 
array, 




akT c (- 


R„ N, N„ 


( 1 ) 
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where, s 

I -[I +K.(T r -T)^] 

P S, ( 2 ) 

Another equation (3) gives the the PV cell output voltage, 

v A n( ^-S -*/ (3) 

<1 4 

The above equation gives the output voltage of a single solar 
PV cell, which is multiplied by the number of PV cells 
connected in series to give full array voltage. 


III. MODEL ANALYSIS WITH INCREMENTAL 
CONDUCTANCE MPPT TECHNIQUE 


Figure 2 depicts the simulink diagram of incremental 
conductance MPPT technique in which PV current and 
voltage are the controlled variables. The initial duty cycle is 
assumed as unity for the DC-DC boost converter. The 
saturation block limits the signal range within the specified 
limits. Figure 3 shows the simulink diagram of boost converter 
control. 



Figure 2 Simulink diagram of incremental conductance 
MPPT technique 


Initial 
Outy Cycle 



Figure 3 Simulink diagram of boost converter control 

A. Solar PV Computation Model 

According to the conducted literature survey, there are two 
types of solar PV conversion systems: single stage and double 
stage. As shown in Figure 4, the double stage Power 
Conditioning System consists of solar PV array, DC-DC boost 
converter and its MPPT control, along with Insulated Gate 
Bipolar Transistor (IGBT) based DC-AC converter with PI 
control. The grid voltage and current from bus no. 4 has been 
taken as the variables and given to the controller of DC-AC 
converter. In addition, the actual DC voltage to VSC is also to 


be controlled and maintained to track the reference MPPT 
voltage. The proposed system is tested at linear RLC load. 
Here, IC based MPPT technique has been implemented. The 
simulink tags for the measurement of voltage, current and 
power values are also shown. These values have been 
measured at VSC, load and utility grid side. Table I lists the 
specifications of each sub-system of the proposed simulink 
system. Table II lists the 100 kW PV module data-sheet 
specifications of manufacturer (Sun Power SPR-305-WHT) 
[ 12 ]. 



W C:DGlMtapii 

Figure 4 Simulink diagram of solar PV with connected 
load 


Table I Specifications adopted for PV system 


Parameter 

specifications 

DC voltage 

200 V 

Load (V n , P, Q,) 

440 V, 82 kW, 22 
kVAR 

LC filter (L, C) 

1500 pH, 30 pF 

Current regulator gains 
(K d Kj) 

0.30, 57 

DC voltage regulator gains 
(K d , K,) 

6, 700 

3-cp transformer nominal 
power and frequency 

200 kVA, 50 Hz 

Power and frequency 

200 kW, 50 Hz 


Table II: Specifications adopted for single PV array (Sun 
Power SPR-305-WHT) [12] 


System name 

Rating values 

No. of cells per module 

96 

No. of series connected 
modules per string 

5 

No. of parallel strings 

66 

Module specifications under 
STC 

V I V I 

v oc> A sc? v mp? 1 mp 

64.2 V, 5.96 A, 54.7 V, 
5.58 A 

Model parameters for one 
module 

Rs> Rp> Isat? Iph? Qd 

0.038 Q, 993.5 Q, 

3.1949x10' 8 A, 5.9602 
A, 1.3 

Maximum power 

66x5x54.7x5.58 = 
100.7 kW 
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IV. SIMULATIONS RESULTS AND DISCUSSION 

In order to show the effectiveness of the proposed system, it 
has been tested at linear RLC load, where the total simulation 
time period is 0.3 s. The real and reactive power exchange has 
been demonstrated among PV-VSC, load and utility grid. The 
tracking behavior of actual DC link voltage around reference 
IC MPPT voltage has been presented. Finally, power quality 
evaluation study has been carried by measuring the THD at 
PV-VSC, load and utility grid side. 

A. MODEL ANALYSIS WITH IC MPPT TECHNIQUE 

Figure 5 (a)-(f) depicts the voltage and current waveform of 
VSC, connected load and utility grid. It has been observed that 
current starts flow from VSC at 0.05 s. It is found that the sine 
wave current flows through the connected load. Small 
harmonics are observed in the grid current waveform. These 
harmonics are due to the current injection by the 
semiconductor devices like wise IGBT based VSC. 


started at 0.07 s, which can be controlled by the further tuning 
of PI based voltage and current controllers. 



Figure 6 Change in actual DC link voltage 
with MPPT reference voltage 

Figure 7(a) depicts the active power response, whereas Figure 
7 (b) depicts the reactive power response of PV array through 
VSC, connected load and utility grid. 



Figure 5 Waveform of a) VSC Voltage b) VSC Current c) 
Load Voltage d) Load Current e) Utility grid Voltage f) 
Utility grid Current 

Figure 6 depicts the tracking of actual DC link voltage around 
the reference voltage of 200 V. It is possible to observe that 
actual behavior of DC link voltage to VSC is having more 
magnitude than the reference voltage. Small transients are 



(a) 



(b) 

Figure 7 Waveform of a) Real power and b) Reactive 
power, with IC MPPT technique 

In order to demonstrate the power quality evaluation 
of the proposed system, the THD measurement and its 
analysis is carried out with the FFT method. The THD values 
of load current and grid current are found to be 0.93 % and 
28.94 %, respectively. Table III shows the complete THD 
analysis from where it is found that THD of converter current 
is 85.77 %. It is due to the fact that PV current flows through 
the VSC, which is a non-linear device. 

Table III: Total harmonic distortion analysis 
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using IC MPPT 


Parameter 

THD (%) 

DC-AC converter voltage 

6.60 

DC-AC converter current 

85.77 

linear-load voltage 

6.60 

linear-load current 

0.93 

Utility-grid voltage 

0.22 

Utility-grid current 

28.94 


B. MODEL ANALYSIS WITH P&O MPPT TECHNIQUE 

In order to validate the results obtained in the previous 
chapter, this section presents the simulated results which have 
been obtained with P&O based MPPT technique. Figure 8 (a) 
depicts the waveform of VSC voltage which is sinusoidal and 
amplitude remains constant. Figure 8 (b) shows the waveform 
of VSC current whose value starts sine shape at 0.05 s. Figure 
8 (c) depicts the waveform of load voltage whereas, Figure 8 
(d) depicts the waveform of load current. Figure 8 (e) depicts 
the waveform of utility grid voltage and Figure 8 (f) depicts 
the waveform of utility grid current. 



Figure 8 Waveform of a) VSC Voltage b) VSC Current 
c) Load Voltage d) Load Current 
e) Utility grid Voltage f) Utility grid Current 


voltages of both utility grid and VSC, whereas the magnitude 
of real power depends upon the product of voltage and phase 
angle between grid voltage and VSC current. 
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Figure 9 Waveform of a) Real power and b) Reactive 
power, with P&O MPPT technique 


Figure 10 depicts the behavior of actual DC link voltage 
around the reference MPPT voltage (200 V). It is possible to 
observe that after 0.05 s, the actual DC link voltage doesn’t 
track the reference voltage. This shows that this P&O MPPT 
technique is not able to track the reference voltage under wide 
change of environmental conditions. 






-actual DC 1 

- MPPT refer 

ink voltage \ 

ence voltage |_ 















> \ 















\ 







T- 




























Time (s) 


Figure 10 Change in actual DC link voltage with MPPT 
reference voltage 


Figure 9 (a) depicts the waveform of active power for solar PV 
through VSC, load and utility grid. Figure 9 (b) depicts the 
waveform of reactive power from where it is clear that the 
VSC power and utility grid power are negative. Therefore, 
both are absorbing instead of generating the reactive power. 
The magnitude of reactive power depends upon the product of 


The THD values of load current and grid current are found to 
be 0.17 % and 5.26 %, respectively. Table IV shows the 
complete THD analysis from where it is found that THD of 
converter current is 4.53 %. It has been found to be lesser as 
compared to the value obtained with IC MPPT technique. 
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Table IV: Total harmonic distortion analysis using P&O 
MPPT 


Parameter 

THD (%) 

DC-AC converter voltage 

0.17 

DC-AC converter current 

4.53 

linear-load voltage 

0.17 

linear-load current 

0.17 

Utility-grid voltage 

0.01 

Utility-grid current 

5.26 


V. CONCLUSION 

This paper has discussed the system performance at P&O and 
IC based MPPT technique comparison for solar PV double 
stage grid connected system. It has been found that harmonic 
level is reduced by P&O MPPT for converter current and grid 
injected current. However, this MPPT is not able to track the 
reference MPPT voltage accurately. This validates that this 
MPPT is not able to operate under wide range of changing 
environmental conditions. The behavior of voltage and current 
levels of VSC, load connected and utility grid has also been 
discussed. Active and reactive power exchange among VSC, 
load connected and utility grid has also been highlighted. 


REFERENCES 

[1] http://en.wikipedia.org/wiki/Solar_power. 

[2] W. Xiao, W. G. Dunford, and A. Capel, “A novel modeling method for 
photovoltaic cells”, In: Proc. of IEEE 35 th Annu. Power Electron.Spec. 
Conf. (PESC), vol. 3, pp. 1950-1956, 2004. 

[3] S. Liu and R. A. Dougal, “Dynamic multiphysics model for solar array,” 
IEEE Trans. Energy Conv., vol. 17, no. 2, pp. 285-294, Jun. 2002. 

[4] K. H. Hussein, I. Muta, T. Hshino, and M. Osakada, “Maximum 
photovoltaic power tracking: an algorithm for rapidly changing 
atmospheric conditions,” Proc. Inst. Elect. Eng., vol. 142, no. 1, pp. 59- 
64, Jan. 1995. 

[5] M. Veerachary, T. Senjyu, and K. Uezato, “Voltage-based maximum 
power point tracking control of PV system,” IEEE Trans. 
Aerosp.Electron. Syst., vol. 38, no. 1, pp. 262-270, Jan. 2002. 

[6] K. K. Tse, M. T. Ho, H. S.-H. Chung, and S. Y. Hui, “A novel maximum 
power point tracker for PV panels using switching frequency 
modulation,” IEEE Trans. Power Electron., vol. 17, no. 6, pp. 980-989, 
Nov. 2002. 

[7] P. Midya, P. Krein, R. Turnbull, R. Reppa, and J. Kimball, “Dynamic 
maximum power point tracker for photovoltaic applications,” in Proc. 
27th Annu. IEEE Power Electronics Specialists Conf., vol. 2, Jun. 1996, 
pp. 1710-1716. 

[8] E. Koutroulis, K. Kalaitzakis, and N. C. Voulgaris, “Development of a 
microcontroller-based, photovoltaic maximum power point tracking 
control system,” IEEE Trans. Power Electron., vol. 16, no. 1, pp. 46-54, 
Jan. 2001. 

[9] T. Noguchi, S. Togashi, and R. Nakamoto, “Short-current pulse-based 
maximum-power-point tracking method for multiple photovoltaic-and 
converter module system,” IEEE Trans. Ind. Electron., vol. 49, no. 1, pp. 
217-223, Feb. 2002. 

[10] T. Esram, and P.L. Chapman, “Comparison of Photovoltaic Array 
Maximum Power Point Tracking Techniques”, IEEE Trans. Energy 
Conversion, vol. 22, no. 2, pp. 439-449, June 2007. 

[11] M.G. Molina, and L.E. Juanico, “Dynamic modeling and control design 
of advanced PV solar system for distributed generation applications”, 
Journal of Electrical Engineering: Theory and Applications, vol. 1, no. 3, 
pp. 141-150,2010. 

[12] Manufacturer Datasheet Specifications, “PV model Sunpower SPR-305- 
WHT”. 




Mr. Navdeep Singh received B.Tech. (EE) from R1FTT, 
Railmajra (PTU, Jalandhar). He currently is Assistant Professor at Electrical 
Engg department at RIEIT,Railmajra. He is the post graduate student at Guru 
Gobind Singh College of Modern Technology, Kharar, Mohali.. He is having 
around 3 years and 10 months experience in academics. His areas of research 
are renewable energy systems and electric power systems. 




rMs. Neha Sharma is Assistant Professor and Coordinator 
(EE) at Guru Gobind Singh College of Modern Technology Kharar, Mohali. 
She is having 1 year 8 months experience and has obtained his M.Tech 
(Instrumentation and Control) from BBSBEC, Fatehgarh Sahib (PTU, 
Jalandhar). 


Mr. Akhil Gupta received B.E (Electrical Engg) from 
GZSCET, Bathinda (PTU, Jalandhar) in 1999 and M.Tech in Electrical 
Engineering from Kay Jay group of Institutes, Patiala (Institute of Advanced 
Studies In Education, Rajasthan) in 2005. He is now working as Associate 
Professor in Chandigarh University, Gharuaan, District Mohali, Punjab, India. 
He has above 15 years of experience in this field. His area of research is in 
application of renewable energy systems into electrical power systems, and 
controls. 



222 


www.erpublication.org 













